
Early Journal Content on JSTOR, Free to Anyone in the World 

This article is one of nearly 500,000 scholarly works digitized and made freely available to everyone in 
the world by JSTOR. 

Known as the Early Journal Content, this set of works include research articles, news, letters, and other 
writings published in more than 200 of the oldest leading academic journals. The works date from the 
mid-seventeenth to the early twentieth centuries. 

We encourage people to read and share the Early Journal Content openly and to tell others that this 
resource exists. People may post this content online or redistribute in any way for non-commercial 
purposes. 

Read more about Early Journal Content at http://about.jstor.org/participate-jstor/individuals/early- 
journal-content . 



JSTOR is a digital library of academic journals, books, and primary source objects. JSTOR helps people 
discover, use, and build upon a wide range of content through a powerful research and teaching 
platform, and preserves this content for future generations. JSTOR is part of ITHAKA, a not-for-profit 
organization that also includes Ithaka S+R and Portico. For more information about JSTOR, please 
contact support@jstor.org. 



THE TRANSIENT PROCESS OF ESTABLISHING A 
STEADILY ALTERNATING CURRENT ON A LONG 
LINE, FROM LABORATORY MEASURE- 
MENTS ON AN ARTIFICIAL LINE. 

By A. E. KENNELLY and U. NABESHIMA, 
(Read April 22, 1920.) 

The purpose of this paper is to make a contribution to the theory, 
records and measurement technique of transient electromagnetic 
wave propagation over long uniform conductors, with particular 
reference to the upbuilding of the alternating-current steady state 
over long alternating-current power-transmission lines, from meas- 
urements made on artificial power-transmission lines in the 
laboratory. 

As is shown in the appended bibliography, the subject has been 
already developed to a considerable extent from the theoretical side. 
Very little, however, seems to have been published on the practical 
side. The research here described has been mainly directed to the 
practical side of the subject, from the laboratory viewpoint. It was 
taken up in October, 191 7, in thesis work towards a master's degree. 1 
It was later continued from May, 1919, to the present date, as a 
research in the electrical Research Division at the Massachusetts 
Institute of Technology. 

Classification of Transients. — For the purposes of discussion 
and analysis, it is desirable to establish certain provisional defini- 
tions relating to transient electromagnetic phenomena, in order to 
avoid ambiguity. 

A transient may be defined as a temporary and evanescent dis- 
turbance in an electric circuit, or in the indications of apparatus 
connected therewith, due to any arbitrary sudden change imposed 

1 Bibliography 36. 
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upon the circuit. A permanent or steady electromagnetic state can- 
not therefore contain transients to any appreciable extent ; although 
transients will probably have been involved in the production of 
that state. It is true that transient phenomena persist with pro- 
gressive attentuation for an indefinitely long period, and, in that 
sense, never completely disappear. From an engineering point of 
view, however, transients diminish into practical negligibility in a 
period of time that is ordinarily measured in milliseconds ; so that 
they may be regarded as having vanished, when the steady state is 
accepted as having been attained. 

For the purposes of discussion, transients are subdivided as 
shown in Table I. 

Class A includes transients of all kinds, mechanical and elec- 
trical. Thus, a kick of the pen of a recording ammeter pointer 
might represent a mechanical transient due to an electrical transient. 

Prominent among transients are electromagnetic-wave transient 
disturbances, or wave transients. 

An important class of wave transients are those which accom- 
pany the establishment of an alternating current over a line. These 
may be classed collectively as initiating a.-c. transients. This is the 
principal class of transients discussed in this paper. 

Initiating alternating-current wave transients occur, in general, 
whenever a switch is closed at the generating end of an a.-c. line. 
If the switch could be closed in such a manner as to produce no 
electric " splash/' the outgoing wave transient would be the " regu- 
lar" transient, which accompanies the regular formation of the 
final alternating-current state. 

Infinite Distortionless Line Closed at Zero E.m.f. (No Tran- 
sients). — If we assume, for simplicity, a perfectly regulated sine- 
wave generator, of negligible internal impedance, connected as in 
Fig. i to an indefinitely long uniform distortionless line, 2 then if the 
switch S is closed at some instant when the alternating e.m.f. is 
passing through zero, the initial outgoing waves of e.m.f. and cur- 

2 A distortionless line was originally defined by Heaviside as a line in 
which l/r — c/g. In such a line, the surge impedance z Q must have zero 
slope at all frequencies, or becomes reactaneeless. See Bibliography (i), 
page 126, Vol. II.; also Bibliography (30), page 154. 
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328 KENNELLY-NABESHIMA— ESTABLISHING A 

rent will be splashless ; i.e., they will be sinusoidal and in cophase 
from the very start. In such a case, because there can be no 
reflection from the distant end, the initial outgoing current will be 
the same, both as to magnitude and phase, as the final outgoing 




Fig. i. Diagram of A. C. Generator Connected to Line. 

current ; or there will be no transient wave. In this particular and 
simple case, if z Q is the reactanceless surge impedance of the line, in 
ohms, E A the maximum cyclic e.,m.f. in vector volts at standard 
phase, the initial and final outgoing current will be 

E A 
I — — , max. eye. amperes Z . ( i ) 



s, 







If the frequency of the impressed e.m.f. is / cycles per second, and 
the corresponding angular velocity (o = 2irf radians per second, then, 
at time t seconds after the switch closure, the instantaneous voltage 
and current at A will be 

e = E A sin <ot instantaneous volts, (2) 

t = — sin a>t instantaneous amperes. (3) 

Because of the simple conditions assumed in this case, including 
infinite line length, the current defined by (3) is instantly de- 
veloped without the intervention of any transient. If the line has 
finite length, but is grounded at B through an impedance equal to 
the surge impedance z 0f it will give rise to no reflections from B, and 
will behave, in this respect, like a line of infinite length. Such a 
case is represented in Fig. 12 (film 35). 
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Finite Smooth Distortionless Line closed at Zero E.m.f. (Regu- 
lar Transients). — If, instead of assuming an infinite line, or its 
equivalent — a line of finite length AB, grounded at B through a re- 
sistance equal to the surge resistance # — we apply the above stated 
conditions to a finite smooth line, grounded at B through some other 
impedance, reflected waves of voltage and current will return to the 
generating end A, and will add themselves to the outgoing stream. 
These successive increments build up regularly into the steady state, 
at each and every point along the line. 3 The initial outgoing e.m.f 
and current are therefore transients in this case, as are also all the 
reflected increments. Such wave transients may therefore be de- 
scribed as " regular " wave transients, because their regular super- 
position and combination bring about the final steady state. 

Finite Smooth Line, with Distortion, Closed at Zero E.m.f. 
(Splash Transients). — If the uniform smooth line AB is not only 
finite; but also has distortion, its surge impedance £ will contain 
reactance, and have some angle or slope. In the steadily alternat- 
ing-current state, therefore, at any point along the line, the current 
and voltage will not, in general, be in cophase. At an instant of 
zero current, there will be some e.m.f. and at any instant of zero 





Fig. 2a. Fig. 2b. 

Illustrating formation of a Current Splash Transient. 



e.m.f. there will be some current. Consequently, if the switch is 
closed at an instant of zero e.m.f., there will be some accompany- 
ing "electric splash"; because the current is then forced to start 
from zero coincidently with the e.m.f. In Fig. 2a, the wave i of 
3 Bibliography 6, and 13 page 79. 
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normally outgoing current is represented as leading, by 30 , the 
associated outgoing wave e of e.m.f . ; so that at an instant of zero 
e.m.f., the strength of the current will be 0.5 ampere. In Fig. 26, 
the switch at the generator end of the line is supposed to be closed 
at an instant of zero e.m.f. The instantaneous outgoing current 
must also be zero at that moment. The first outgoing half wave of 
current is therefore distorted from the sinusoidal form, and follows 
a course such as is indicated approximately by the dotted line abc. 
This distortion gives rise to a splash transient. 

A splash wave transient may therefore be defined as that tran- 
sient wave disturbance which is due either to closing the line switch 
at a moment when the generator e.m.f. is off zero; or, if the 
generator e.m.f. is zero, to the zero of line current forced at that 
instant, when the surge impedance of the line calls for a definite 
phase difference between outgoing current and voltage. In general, 
the splash transient will be greater, the greater the value of the 
impressed e.m.f. at switch closure. The splash can only be zero 
in the case of a distortionless line closed at an instant of zero e.m.f. 
It may, however, be expected to be a minimum, on any ordinary 
line, when closed at or near an instant of zero e.m.f. ; because if there 
is no e.m.f. splash, the current splash is usually very small. 

Lumpy Artificial Line Closed at Zero E.M.F. Lumpiness Tran- 
sients. — If an artificial line, made up of alternate coils and con- 
densers, is used in place of a smooth and uniform line; the lumpi- 
ness of the line will give rise to another type of transient, 4 which 
may be called a " lumpiness " transient. This lumpiness transient 
may be regarded as being produced by oscillatory disturbances 
between the successive coils and condensers. Lumpiness transients 
are magnified by the sudden application of a large e.m.f. In other 
words, the conditions which produce splash transients on smooth 
lines are also those which favor lumpiness transients on artificial 
lines. In laboratory measurements of lumpy artificial lines, lumpi- 
ness transients must therefore be expected over and above the 
transients due to splash. 

Table I. presents a provisional classification of transients con- 

4 Bibliography 37. 
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nected with electric circuits. These may be divided into subclasses 
in a variety of ways. The transients particularly discussed in this 
paper are the regular transients M, which are a branch of the in- 
itiating a.-c. wave transients, and which belong to the principal class 
A through subdivisions E, F, H, and /. 

Artificial Line Employed. — The measurements reported in this 
paper were all carried out on an artificial line in the electric trans- 
mission laboratory of the Massachusetts Institute of Technology. 
This is an artificial power-transmission line of 26 7r-sections, de- 
signed by Drs. Pender and Huxley, the construction and dimensions 
of which have been described elsewhere. 5 It represents an aerial 
singlephase copper conductor of 253 sq. mm. (500,000 cir. mils) 
cross section, using ground or neutral return, and having the con- 
stants given in the following table. 

TABLE II. 
Particulars of the Artificial Line Chiefly Used in Tests. 

Length of Conjugate Smooth Line per section 48.28 km. 30 miles 

Total of 26 sections 1255 km. 780 miles 

Whole Line. Per Section. 

Conductor Res : R at 19 C, ohms 87.71 3.374 

Inductance L, henrys 1.457 0.05605 

Reactance X, at 60.6^ ohms .555 21.345 

Dielectric Leakance G, mhos 15.14 X io~ 6 0.5823 X io -6 

Dielectric Capacitance C, farads 12.58 X I o- 6 0.4838 X io~ 6 

Dielectric Susceptance B, at 60.6^ mhos 4.790 X JO"" 3 0.1842 X io~ 3 

Linear Constants. Per Wire Km. Per Wire Mile. 

Linear Resistance r at 19 C, ohms 0.06987 0.11245 

Linear Inductance I, henrys 1.1611 X io~ 3 1.8683 X io -8 

Linear Reactance x, at 60.6'— ', ohms 0.4421 0.71 15 

Linear Leakance g, mhos 1.206 X JO -8 1.941 X I0 " 8 

Linear Capacitance c, farads 1.002 X io -8 1.6127 X io~ 8 

Linear Susceptance b, at 60.6^, mhos 3.816 X icr 6 6.141 X io -6 

Surge Impedance 2 of line, or of a section, at 60.6^, 342.5 V4 24' ohms Z 
Angle O subtended by whole line, at 60.6 ^, 

1.6405Z85 25'8" = 0.1315 + / 1.6352 = 0.1315 + j 1. 041 hyps Z. 
Angle subtended by single section, at 60.6 ^, 

5 Bibliography 17a and 30. 
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0.0631Z85 25' 8" = (5.058 .+ / 40-Q4 ) 10- 3 hyps Z. 
Linear angle a at 60.6^, 

1.307 X io- 3 Z85 25' 8" = (0.1043 + / 1.302) io-3 

= (0.1048 + j 0.8293) 10- 3 hyp/km. 
Linear angle a at 60.6^, 

2.103 X 10-3/85° 25' 8" = (0.1686 + j 2.096) 10-3 

= (0.1686 + j 1.335 ) 10- 3 hyp/mile. 
Lumpiness correction of line, or of any section, in steady state, at 60.6^, 
9 B 

— /sinh — = 1 .0002 Vo° .0002. 
a 7 2 

The lumpiness correction factor of this line in the steady state 
is 1.0002 \" o°.ooo2 at 60^, which, for practical purposes, is quite 
insignificant. This means that, for a.-c. transmission in the steady 
state, at 60 /-', this lumpy artificial line is equivalant to the smooth 
uniform line having the linear constants r, g, I and c of Table II. 
At 189.4 ^, however, the lumpiness correction factor, in the steady 
state, is 1.002 ^ o°.oi, and at yet higher frequencies, it becomes 
very appreciable. A picture of part of this line appears in Fig. 8. 

In most of the measurements of transients made on this line, 
the full length of 26 sections, 1255 km., or 780 miles, was employed. 
At 6o.6<—' — the frequency ordinarily used — this length is nearly a 
quarter wavelength, 6 so that, in the steady state, with the distant 
end B free, the voltage at B with the oscillograph connected there, 
rises to 5.627 V no°.6 times the voltage impressed at A. 

Electrical Connections. — The electrical connections most fre- 
quently employed in the tests are indicated in Fig. 3. AB is the 




The Artificial Line 



--'ffftrasY&TOnr- 




Fig. 3. Electrical Connections of Artificial Line. 



artificial ir line. At the generator end A, is a single-pole motor- 
controlled line switch S, for closing the circuit at any desired phase 
of e.m.f. from the alternator G. A current-recording oscillograph 
6 Bibliography 13, p. 82. 
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A records the initial current waves entering the line for the first 
few cycles after the switch 5* is closecj. The voltage-recording 
oscillograph E records simultaneously the wave form of the im- 
pressed e.m.f. The distant or receiving end B, is freed in Fig. 3, 
except that it is connected to ground through the high non-inductive 
resistance, ordinarily of 9900 ohms, in order to permit of operating 
the voltage-recording oscillograph L \ All three oscillographs are 
set into operation simultaneously, on closing the phase-selecting 
switch S, during about 8 cycles from the 60 <— ' generator G, or for 
a duration of about % 5 second; and all three are recorded on the 
same photographic film 8.25 cm. (3J4 inches) wide. In this manner, 
the voltage at each end of the line, and the current at the entering 
end, are recorded immediately after closing the line switch S. 

Alternating-Current Generator. — The a.-c. generator G, Fig. 3, 
was a 6-pole 10-k.v.a. alternator of the Lauffen type, designed by 
Prof. C. A. Adams, for the delivery of a nearly pure sine-wave 
e.m.f. At the time these tests were made, no other load was con- 
nected to the machine. It was driven by a directly coupled d.-c. 
no-volt motor, of approximately 10 kw. continuous rating, rotating 
at approximately 1200 r.p.m. The current in the d.-c. motor field 
magnet was adjusted in the testing room, so as to maintain constant 
frequency. The frequency was measured in the testing room by 
mounting a stroboscopic disk on the shaft of the small synchronous 
motor, and observing this revolving disk, illuminated by a fixed 
incandescent lamp, through slits in the prongs of a stroboscopic 7 
fork on a telescope. Unless in such measurement, the frequency is 
held constant, the results are of little value. 

Oscillograph. — The oscillograph had three vibrators, in an elec- 
tromagnetic field common to all. The instrument was designed and 
constructed by Mr. H. G. Crane, at Harvard University. The 
bifilar vibrators had a working length of 12.5 mm., and were damped 
in castor oil. As the currents observed were of low frequency, the 
correction factors for frequency of the vibrators 8 are insignificant at 
60^, and are omitted. 

7 Bibliography 7. 

8 Bibliography 39. 
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Ammeters and voltmeters of the alternating-current type were 
introduced, at special times, into the artificial-line circuits, in order 
to secure calibrations of the oscillograms. The impressed e.m.f. at 
A ranged, in different cases, from 60 to 100 volts r.m.s. 

Line-Switch Connections. — In order to minimize splash tran- 
sients, it was necessary to design and make up a switch, which 
would connect the 60 ^ alternator to the artificial line at an instant 
of zero e.m.f. For this purpose, a little 6-pole synchronous motor, 
running in synchronism with the a.-c. generator, was caused to 
drive an insulating disk D, Fig. 4, carrying a 6o° conducting sector 



To the fknerato/: 




Fig. 4. Brush Mechanism. 



S, in such a manner that a pair of insulated brushes B 1 B 2f resting 
thereon, could be brought into contact, through the sector, at any 
desired position around its circumference. The final adjustment of 
phase position was secured by means of the graduated pointer and 
scale LK, divided into single degrees of arc. One electrical degree 
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of phase shift corresponds to 24 ° of LK mechanical-arc adjustment. 
This adjustment is also illustrated in Fig. 5, where the pointer P 




Fig. 5. Time-controlling Mechanism of Circuit-closing Switch. 



stands over the stationary scale K, and determines the position of 
the brushes B 1 B 2 around the sectored insulating disk D. One elec- 
trical degree of a 60^ alternator corresponds to %i6oo of a second, 




W4 



- 1 -& 



r 
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AAAA 



Ww 



To the Line. 



Fig. 6. Switch Diagram. 
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or 46.3 microseconds, so that, theoretically, 1 degree of arc in the 
setting of the pointer P corresponds approximately to 2 micro- 
seconds of time. 

Technique of Making Records. — The electrical connections of 
the switch mechanism are indicated in outline by Fig. 6. The 
alternating-current generator G, is supposed to be in regular opera- 
tion at the correct frequency. The above mentioned synchronous 
motor, shown in plan view in Fig. 7, is then started, and synchron- 




Fig. 7. Plan View of Synchronous Motor and Circuit-closing Switch. 



ized with the generator. The arc lamp for the oscillograph vibra- 
tors is then lit. The brushes BJ$ 2i Fig. 4, are next set in the correct 
position to close the generator on the artificial line at an instant of 
zero e.m.f. This adjustment is made by trial, substituting a simple 
non-inductive resistance for the artificial line, and closing the gen- 
erator through the brushes, and an oscillograph, so as to observe on 
the translucent screen whether the beam of light starts into vibra- 
tion without a splash. The setting of the brushes to effect this 
result can usually be adjusted, with ordinary optical conditions, 
within one electrical degree, or 46 microseconds for a 60^ gen- 
erator. The artificial line is then reconnected to the apparatus, all 
ready for the photographic record. A starting lever is moved by 
hand, and this causes automatic switch S ± to be closed, ahead of the 
rotary switch D. The brushes B 1 B 2 then close the circuit finally, 
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at the proper predetermined phase of minimum splash. The auto- 
matic switch S 2 then immediately follows, so as to keep the contact 
closed on the line after the brushes B 1 B 2 have passed off the contact 
segment. Before the brushes BJ$ 2 close, the photographic shutter 
is opened by the electromagnet C lf under the action of an automatic 
switch S 3 . After one complete revolution of the photographic-film 
drum, another shutter is closed by the electromagnet C 2) under the 
control of an auxiliary automatic switch 5 4 . This cuts off the arc 
light from the recording film, after about nine cycles have been 
recorded on all three oscillographs. The whole mechanism can 
then be arrested, by hand, at leisure. Lastly, the photographic drum 
is removed and taken to the dark room for development. 

A photographic view of the artificial line and the oscillographic 
apparatus is shown in Fig. 8. 




Fig. 8. Artificial Power Transmission Line, Oscillograph and Switching 

Apparatus. 



Case of Regular Transients. — About 150 different triple oscillo- 
grams have been secured of initial electromagnetic wave transients, 
under various conditions, over artificial lines. Only a few of these 
can be dealt with in this paper. 
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Fig. 9 (Film No. 40) shows the regular transient case for thir- 
teen half cycles on the full-length artificial line, as defined in Table 




Fig. 9. Triple Oscillogram of e&, is and er for 1255 km. artificial power line 
freed at distant end. / = 6o.6^. 

II., at the frequency of 60.6^, with the distant end free (through 
the oscillograph at B), and with the line switch closed at or very 
near to an instant of zero e.m.f. The electrical connections are 
those of Fig. 3. 

The three curves on Film No. 40, Fig. 9, are e 8 , u and e r , repre- 
senting respectively the sending-end e.m.f., the sending-end current 
and the receiving-end voltage. The sending-end voltage (76.7 volts 
r.m.s.) is seen to be substantially uniform throughout the seven 
cycles. It may be observed, however, that during the first two or 
three alterations, the maxima of impressed e.m.f. are slightly 
higher than those at later stages. This may have been an effect of 
throwing on the load. The same effect could also be detected on a 
voltmeter, when throwing the line on and off. In the computations 
to be subsequently described, these deviations from uniformity in 
e 8 were taken into account. In the analysis of the oscillographic 
record, the measured values are all referred, for convenience, to 
those which, by simple proportion, would be obtained with 100 volts 
impressed e.m.f. 

The i 3 curve starts, without appreciable splash, practically in 
phase with the e.m.f. Near the end of the first alternation, it is 
reinforced by a current wave reflection from the distant free end. 
These reflections keep coming in, approximately in step with the 
outgoing alternations, so that the final sending-end current is nearly 
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six times (5.691) the initial sending-end current. This represents 
a series of regular initiating a.-c. wave transients. 

The e r curve starts about half an alternation behind the e 8 and i 8 
curves, since 4.3 milliseconds are required to transmit the wave 
along the artificial line, and an alternation at 60.6 ^ lasts 8.25 milli- 
seconds. It then develops into a sinusoidal wave with an amplitude 
that steadily increases, owing to increments reflected from the send- 
ing end. The steady state is, however, very nearly reached by the 
end of the oscillogram. The ratio of the final to the initial crest 
value is 5.627. As- has been already mentioned, the line happens 
to be nearly quarter-wave length for the impressed frequency 
(60.6 -). 

The growth of the i 8 curve and especially of the e r curve, has 
been found to be in substantial agreement with the theory of initiat- 
ing regular transients over the corresponding smooth line, as will 
shortly be detailed. This means that in spite of the lumpiness of 
the artificial line, the transient stages of voltage and current de- 
velopment into the a.-c. steady state, are presented substantially as 
they might be expected over the corresponding smooth line, pro- 
vided that the voltage application is made at an instant of zero e.m.f . 

Splash and Lumpiness Transients Mingled with Regular Initiat- 
ing Transient. — In Fig. 10 (Film 110), the same artificial line, 




Fig. 10. Example of Splash, Lumpiness and Regular Transients. 

freed at the far end, is closed on the same generator at the same 
frequency. The switch is closed, however, at or near a crest value 
of impressed e.m.f. e 8 . The entering current i 8 , instead of rising 
smoothly, as in Fig. 9, jumps up rapidly to crest value, with an 
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oscillation in the process, and then descends upon a distorted curve. 
The deviations from the sinusoidal state are clearly visible in i 8 for 
five alternations, after which the upbuilding progress towards the 
same final steady state as in Fig. 9, becomes fairly regular. Simi- 
larly, the far-end voltage e r rises with oscillations which are not 
attributable to the oscillograph, and are probably lumpiness tran- 
sients. The deviations from the sinusoidal wave form are visible 
in the growth of e r for at least four alternations. The case is there- 
fore one of mixed splash, lumpiness, and regular initiating tran- 
sients. The curves of this case have not been analyzed. 

The zero line of e, contains ripples, which are due to accidental 
mechanical tremors of the instrument at the moment of zero-line 
recording. The zero lines were ordinarily recorded after the oscil- 
lographic wave records on the line had been secured, and at a time 
when the instrument was disconnected. 
(628 km. or 390 miles) and is grounded at B through a current- 

In Fig. 11 (Film No. 106), the artificial line has half length 




Fig. 11. Example of Splash, Lumpiness and Regular Transients. 

recording oscillograph. The line switch was set to close at or near 
a crest of impressed e.m.f. of about 70 volts r.m.s. The splash at 
A is very marked, The curve i 8 is the sending-end current, and is 
very erratic during the first two or three alternations. The receiv- 
ing-end current i r is also very erratic, and contains lumpiness oscil- 
lation ripples. It slowly regularises itself, as time goes on, towards 
the steady state. When the line switch was closed at an instant of 
zero e.m.f., instead of near the crest value, these erratic waves did 
not present themselves on this 625 km. line. No attempt has been 
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made to analyze these curves as yet, owing to the bad splash and 
lumpiness transients they indicate. 

Splash Transient Occurring Singly. — If the line is made vir- 
tually of infinite length with respect to the sending end, by ground- 
ing it at B through an impedance equal to its surge impedance z 0f 
a splash produced by the closing of the line switch off zero e.m.f., 
will give rise to a splash transient, that will vanish very quickly at 
A; because no reflected waves can return from the distant end. 
An example of this case is presented in Fig. 12 (Film No. 35). 




Fig. 12. Non-recurring Splash and Casual Transients. 

Approximately the same half-length artificial line as in Fig. 11 
(580 km.), is here grounded at B through a combination of resist- 
ance and condenser, so as to produce an impedance, at 60.6^, of 
342.5 \- 4 . 4 ohms. The line switch was closed at a phase of about 
20 electrical degrees later than the zero of ascending e.m.f. This is 
seen to produce a splash both in e 8 and i 8 , the initial outgoing waves 
of e.m.f. and current. This splash is also seen to be repeated in the 
B-end voltage e r , where the load (z ) is connected. The splash 
gives rise also to a lumpiness transient, as may be seen by the ripples 
in i 8 , the entering current, during the first alternation. A similar 
lumpiness ripple transient is faintly perceptible in the first alterna- 
tion of e r at B. Neither splash nor lumpiness transients' are visible, 
however, in the second or succeeding alternations in any of the 
curves, these disturbances, according to theory, being all absorbed 
at the B end, by the load z . 

Casual Transients. — At the point Ae 8 , Fig. 12, in the fourth 

PROC. AMER. PHIL. SOC, VOL. LIX, V, DEC. 14, 1 920. 
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alternation of impressed e.m.f., there is an accidental transient 
ripple, due to a slip in the contact mechanism of the line-switching 
apparatus at A. This momentary disturbance is clearly duplicated 
simultaneously at Ai 8 in the sending current. After an interval of 
about 2 milliseconds, a similar ripple transient appears at Ae r , in 
the voltage at B. All of these transients are absorbed in z , at B, 
and do not reappear. Such wave transients may be called casual 
transients, to distinguish them from initiating transients which occur 
at the starting of an a.-c. regime, or from terminating transients 
which occur at the opening of an a.-c. circuit. 

Regular Transients with Apparent Distortion. — In the case repre- 
sented by Fig. 9, the e.m.f. and current waves, launched without 
appreciable splash, develop regular transients that build into the 
final steady state, without noticeable distortion. The successive 
alternations increase in size without departing noticeably from their 
sinusoidal shape. This is for the reason that the successive reflec- 
tions, so long as they are of appreciable magnitude, happen to make 
their appearance, at each end of the line, at or near the moments 
when the voltage and current are passing through zero. This must 
always happen, according to theory, when the length of the freed 
line is a quarter wave for the impressed frequency. If, however, 
the line has a length distinctly different from a quarter wave, or 




Fig. 13. Apparent Distortion of Transients due to Interference of Suc- 
cessive Reflections. 

simple multiple thereof ; or if the voltage and current waves are 
recorded at some intermediate point of a freed quarter-wave line, 
each of the successive reflections will come in during the active part 
of an alternation. In particular cases, they may happen to arrive 
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at the crests of successive alternations. In such instances, the 
waves will change abruptly from one sinusoid to another of dif- 
ferent amplitude. The resulting waves may therefore appear to be 
distorted, or nonsinusoidal, until they are analyzed. An example 
of this kind is presented in Fig. 13 (Film No. 101). Here the full- 
length artificial line (1255 km.) is freed at the distant end, and the 
recording oscillographs of e.m.f. and current are connected to the 
line at the half-way point (627.5 km. from each end). It will be 
seen that the impressed e.m.f. e s is applied near an instant of zero 
voltage, and without perceptible splash. The voltage wave e 3Q0 at 
the midlength point, commencing about 2 milliseconds later, rises 
also without splash, along an approximately sinusoidal curve. Just 
about the crest of this wave, the first reflection (positive) has had time 
to return from the distant free end. This reflected wave adds itself 
to the first arriving wave at the midway point, and so apparently 
distorts the wave form. These distortions can be noticed for several 
alternations in e S90 , and are due almost wholly, if not entirely, to the 
superposition of new reflections. The same considerations apply 
to the current i S90 in the line, at the midway point. The electrical 
connections are indicated in Fig. 14. The first reflected wave of 

g 1, 628 km. ,l 626 km 




S A 



B 



Fig. 14. Electrical Connections of Oscillograph and its Leak, half-way along 
the Artificial Line freed at B. 

current arriving at P, 4.3 milliseconds after the first arrival at P, 
is in the negative direction from the distant free end B, and so 
produces a more marked apparent distortion in i 390 , than occurs in 
e 3Q0 , where the first reflection is positive. Similar distortions due 
to further incoming reflections are noticeable in the curve i 390 for 
several alternations. At the end of the oscillogram, 125 milli- 
seconds from the start, the waves of e S90 and i 390 have very nearly 
attained their final steady and practically sinusoidal values. 
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Analysis of Regular Transient Case. — Fig. 15 presents the theo- 
retical stationary vector analysis of the case to which the oscillo- 
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Fig. 15. Vector Diagram of Electromagnetic Terminal Reflections in Long 
Distance Power Transmission Line. 

gram of Fig. 9 belongs. It is treated in detail in Appendix II. 
The axis OX represents the standard phase of the sending end 
voltage. The successive maximum cyclic voltage reflections at B, 
are represented to scale by the vectors Oa, ab, be, etc., as far as the 
fourteenth inclusive. The vector sum of these {Oa, Ob, Oc, etc.) 
are given for each step in the process. Table V. in Appendix II., 
shows the maximum cyclic values attained at each stage. This in- 
creases to E B 796.2 v I09°49' at the thirteenth reflection. After 
this, it diminishes slightly to 795.8 nio°.36' in the final steady 
state. The final voltage at B is thus 5.63 times the impressed volt- 
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age at A, owing to the fact that the line AB is nearly of quarter- 
wave length. 9 

In a similar manner, the successive currents and reflections at A 
are indicated by the vectors OA, AB, BC, etc., together with the 
successive vector sums OA, OB, OC, etc., as far as the thirteenth 
wave inclusive, when the final steady state is nearly reached. 

We should therefore expect that the voltage at B would, in 
the first wave, attain the crest value Oa, in the next reflection the 
crest value Ob, in the next following reflection Oc, and so on. A 
comparison between the observed and computed waves is given 
graphically in Fig.. 16. Here'the upper line of waves deals with the 
sending-end current, the middle series with the impressed voltage* 
and the lowest series with the voltage at B. Referring to the latter 
series, the successive reflected voltage waves Oa, ab, be, etc., of Fig. 
15, are marked with the numerals I., II., III., etc., in Fig. 16, and 
these are superposed, by point to point addition, in the heavy wavy 
line No. 1, No. 2, No. 3, etc. This heavy wave is the computed 
resultant regular transient of e r . If there were no errors in the 
assumptions or mode of computation, the oscillogram of e r should 
coincide with this line. The oscillogram of e r in Fig. 9 actually 
does coincide very nearly with this theoretical line, the small deriva- 
tions therefrom being indicated at the crests of the first few waves. 
Thus, at the crest of wave No. 3, the computed maximum value is 
531.9 volts; whereas the oscillograph shows 539 volts, a deviation of 
1.3 per cent. This is the largest discrepancy detected between the 
observed and computed values of e r . We are, therefore, entitled to 
conclude that in the case of this artificial line, with the switch closed 
splashlessly, the lumpiness of the line had very little effect upon 
the voltage at the distant free end. 

Referring to the upper line of waves i 8 in Fig. 16, the same 
procedure has been followed. The heavy line is the sum of the 
reflected waves, according to the vector sums OA, OB, OC, of Fig. 
15. This heavy wavy line is, therefore, the theoretical summation 

9 If the line had been freed at B, instead of being grounded through the 
oscillograph of 9900 ohms, the final voltage E at B would have been in- 
creased from E X5.63V110 36' to E X 6.82^116° 20', and the transient 
e.m.f. waves would also have been materially modified. 
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of regular current transients at A. The oscillogram of i 8 should 
coincide with -this line, if there were no errors in assumptions or 
computation. The actual oscillographed i s wave is shown by a 
chain line in Fig. 16, and the deviations of this from the heavy line 
are marked thereon at the successive crests. It will be seen that, 
in the first wave, the discrepancy is small. The discrepancy in- 
creases up to wave No. 3, when it reaches 17.5 per cent. The dis- 
crepancy then dies away, almost to zero, in the last wave, No. 13. 

This discrepancy in current amplitude, reaching a maximum at 
the third wave, is too large to be attributable to errors of interpreta- 
tion in the oscillogram. It may be attributed therefore either to 

(1) small higher harmonics in the wave of impressed e.m.f.; i.e., 

to deviation from the sinusoidal form, with initial wave tran- 
sients resulting therefrom, 

(2) imperfect regulation of impressed e.m.f., or initial deviation of 

e s from the normal amplitude, with initiating wave transients 
resulting therefrom, 

(3) lumpiness in the artificial line, with corresponding initiating 

wave transients, 

(4) secondary reflections at A from the internal impedance of the 

alternator, not taken into account. 

The shares of the above possible sources of discrepancy in i s have 
not been determined. It is intended, however, to substitute a taper- 
ing pair of smaller n sections, for the first section at the A end of 
the line, so as to diminish the lumpiness of the line at the generating 
end, where the waves start. Ordinarily, the greatest discrepancies 
between theory and observation are to be expected in the initiating 
wave transients of current at the sending end. All errors are 
exaggerated at this point. Considering the complexity of the con- 
ditions, it is remarkable that the discrepancies have not been larger. 
Of the considerable number of initiating wave transient oscil- 
lograms which have been obtained on this and other artificial lines, 
Fig. 9 is a fair sample, and not a specially selected case. It has 
been analyzed to a greater extent, however, than any of the rest. 
The conclusion to be drawn from this analysis seems to be sup* 
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ported by other cases, so far as they have been examined ; namely, 
that at the impressed frequency of 60^, nearly sinusoidal, if the 
voltage is impressed without splash at an instant of zero e.m.f., 
the artificial line behaves substantially like its conjugate smooth line, 
the greatest discrepancy being in the current-wave transient at the 
sending end. Consequently, any similar artificial line of a like 
degree of lumpiness, should be available, in the laboratory, for the 
study of initiating and casual a.-c. wave transients. 

Arrival Times. — The apparent velocity of transmission of an 
a.-c. wave over an artificial line subtending an angle of = 1 + j0 2 
hyps radians Z , at a given impressed frequency / ^ is 10 

Leo km. . N 

v = i; n.> (4) 

where L is the length of the line in kilometers. This velocity is the 
" group velocity " of the waves at this frequency. For the artificial 
line considered, at 60.6 ^, ^ = 292,300 km./sec. It tends to reach 
the limit 300,000 km./sec. at very high frequencies, in air. 

The number of single passages, or single transits, of the wave 
over the line per second, is 

v o) numeric . N 

n = z=K ~^r- (5) 

In the case of this line at 60.6^, n = 232.9 transits per second. 
The transit time T, or time interval of a single passage over the 
line, from one end to the other, is* 

T = ~ = — seconds. (6) 

n o) . 

In the case to which Fig. 9 refers, 2 =1.041 quadrants, and 
(0 = 60.6X4 = 242.4 quadrants per second. Hence, 7 = 0.004295 
second, or nearly 4.3 milliseconds. At a point P, whose angular 
distance from the ends A and B are f = 1 f +j8 2 f and 0" = 1 " 

10 Bibliography 30, p. 283. 
* Bibliography 30, p. 283. 
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+ /0 2 " hyps respectively, the arrival time, or time of transit from 
A to P is 

Ti = — seconds. (7) 



The time required for the wave to go from A past P to B, and back 
to P, thus making one reflection from the distant end, will be 

O2 + 20 2 " 20 2 — O2 
T P1 = = = 2 T— 7\ seconds. (8) 

CO CO v 

This interval may be called the B reflection time at the point P. 

The second B reflection at P arrives after a time T P2 from 
switch closure 

4^2 ~~ v2 

T P2 = 2 T + T P1 = = 4 T — 7i seconds. (9) 

CO 

Similarly, the feth arrival at P occurs after a time from switch 
closure of 

2(&— i)i + ii = seconds. (10) 



Again, the fcth reflection from the S end reaches P after a time T PK 
from switch closure. 

T Pl =2(k-i)T+ T P1 = 2 2 " 2 =2kT-T x seconds. (11) 



In the case when P is situated at B, as in the example of Fig. 9, 
0' = 0, 0" = o, so that 

Tm = e l = T seconds. ( > 

CO v 

and 

r» = 2(ft- i)r+r=(2*-i)r seconds. (13) 

Instantaneous Value of Growth Factor. — If a sinusoidal e.m.f. 
of E A max. cyclic volts, at standard phase, is impressed on the A 
end of the line at an instant of zero voltage, then the instantaneous 
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value at A, t seconds after switch closing, will be 

Ga = Ea sin co/ volts. (14) 

As shown in Appendix L, the vector voltage at P in the final steady- 
state will be 11 

_ _ sinh 5 F 

Ep* = ^ s i^hy max - c y- volts - z - ( x 5) 

The size of E P(X) is the size of this planevector quantity, and may be 
represented by I^PoJ. If its slope is — f3°, then the instantaneous 
value at P in the steady state, after t seconds, is 

P F(X = I E Fx J sin (o)t — j8°) inst. volts. (16) 

It is also shown in Appendix I. that at P, after the passage of the 
fcth reflection from B, and before the arrival of the (fe + J )th re ~ 
flection from A, the max. cyclic vector voltage is 

E Pk =Ep K (i-€~ 2kSA )=E P<x '2e~ k ^sinhk8 A max. cy. volts. Z. (17) 

If the size of this planevector quantity be denoted by | E Pk |, and its 
slope is — /?fc° ; then at any time t between the feth and (k + i)th 
reflections, the instantaneous e.m.f. at P will be 

e Pk = I E Pk I sin (cat — ]82) inst. volts. (18) 

The slope — fa changes abruptly at each succeeding increment. 

Graphical Development of Initiating Transients. — A rotatory 
vector diagram of the voltage developed at the B end of the line in 
the case represented by Fig. 3, is indicated in Fig. 17, for the first 
four reflections. The line — XOX is the projection axis. Pro- 
jections on this axis from a rotating vector e.m.f. indicate the in- 
stantaneous e.m.f. at the end B of the line, with the oscillograph load 
of 9900 ohms. 

The vector OA represents the first reflected wave of 239.5 max. 
cy. volts at B, at the instant of its arrival there, and when its 
instantaneous value is still zero. This vector OA then rotates 

11 Bibliography 30. 
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counterlockwise at the angular velocity of the impressed e.m.f. ; i.e., 
60.6 revolutions per second. Its projection on the line OX at any 
instant t seconds after arrival, will then give the instantaneous e.m.f. 




Fig. 17. Rotary Vector Diagram of e.m.f. at B during part of Transient 

Period. 



at B. When the vector OA has described 187 , and reached the 
position OB' with an instantaneous value of Ob = — 30.0 volts, 
8.6 milliseconds later than the position OA, the second reflected 
wave arrives. The resultant of OA and the second reflection has a 
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size equal to that of OB, as obtained by consulting the stationary 
vector diagram Fig. 15. OB is now the new rotating vector, but 
its projection on OX must commence at the same value Ob as 
existed at the instant of the second reflection's arrival. This re- 
quires an instantaneous leap of the projecting vector from OB f to 
OB. The new vector OB now executes the half circle BC (187 ) 
at the standard angular velocity, until it reaches the position OC, 
8.6 milliseconds later than that it occupied at OB. Here the third 
reflection arrives and requires an instantaneous change of the vector 
from OC to OC, with a common instantaneous projection Oc. 
The new resultant vector OC, of three reflections, now rotates 
through 187 to OD', when the fourth reflection arrives and causes 
an immediate change to OD. This process goes on indefinitely. It 
will be observed that although Fig. 17 represents the instantaneous 
e.m.f. at the receiving end of the line from the moment of arrival 
of the first reflection, the angular position of the rotating vector 
ceases to correspond to the time which has elapsed, owing to the 
instantaneous backward leaps at the moments when new reflections 
arrive. 

It may be. observed that, referring to Fig. 15, the envelope of the 
successive resultants of e.m.f. reflections Oa, b, c, etc., is an equi- 
angular spiral. The same is true for the corresponding envelope of 
current-wave reflections, as laid down in a stationary vector diagram 
A B C, etc., Fig. 15. When the successive waves of arrival and 
reflection are summed at a point P along the line, instead of at the 
distant end B, the same propositions will be found to apply to the 
envelope of the successive reflections. The vectors of arriving 
waves will, however, differ, in general, from those of the reflections 
succeeding them. 

The algebraic expression corresponding to Fig. 17 is: 

6b = E Am {me~ ei sin («/ — 2 ) + w(i — m)e~ S01 sin («/ — 3# 2 ) 

+ m{\ — m) 2 e~ 5ei sin («/ — 50 2 ) + • • • } inst. volts. (18a) 

Here each term must be included after the time has elapsed for 
its arrival. Three phase angles present themselves in each term; 
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namely, (i) the phase angle <*)t, which increases uniformly with t, 
the time elapsed from switch closure; (2) the angle 6 2 , $0 2 , 5# 2 , etc., 
which is a multiple of the circular angle 2 subtended by the line, 
and is the phase delay due to 1, 3, 5, etc., wave passages over the 
line; (3) the slope of the vector coefficient m, m(i — m), etc., which 
takes into account the change of phase in the voltage wave due to 
reflections. The scalar sum of the terms in (18a) agrees at any 
instant with the projection on OX in Fig. 17. 

Summary. 

1. Oscillographic measurements over a lumpy artificial power- 
transmission line in the laboratory, are reported for certain initiating 
wave transients. The technique is described. One of these oscil- 
lographs is analyzed, and compared with the elementary theory of 
steady-state attainment. The discrepancies between the observed 
and computed values are negligible for the voltage waves at the 
receiving end of the line. They are distinct, but not very serious, 
for the outgoing current waves at the sending end. 

2. A lumpy artificial line can be used for the measurement of 
initiating a.-c. wave transients, if an automatic circuit-closing switch 
is set to connect the generator to the line at a moment of zero e.m.f . 

3. A provisional classification of transients is offered. Particu- 
lar cases of splash transients, lumpiness transients, casual transients, 
and regular initiating transients are offered, from experimental 
observations. 

4. The growth factor of a regular series of transients is analyzed 
for any point P in a single line loaded at the receiving end. This 
growth is a discontinuous function of time, its increase occurring by 
little vector jumps. The envelope of the growth- factor vector is 
an equiangular spiral. The growth factors for current and voltage 
are the same. 

5. The transitory impedance at and beyond any one point on a 
line such as is described, is constant at successive B reflections, after 
the first reflection from B, and is equal to* the impedance at that 
point in the final steady state. 

6. The position angle of the B end of a loaded line in the steady 
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state is directly related to the transient transmission and reflection 
coefficients, at that end, during the preliminary state. 

7. The process of transmitting power along an alternating-cur- 
rent line may be simply conceived of as the rate of delivery, at 
the sending end, of magnetic and electric fluxes, with their neces- 
sarily contained energies. 

Appendix I. 

On the Regular Attenuation of Sinusoidal Waves over a Smnoth 

Uniform Line Loaded with an Impedance at the 

Receiving End. 

In Fig. 3, let the smooth uniform line AB be voltaged at A and 
loaded at B with an impedance o- vector ohms (or ohms Z ). The 
switch is closed at A without splash, on a single-frequency alter- 
nator of negligible internal impedance and frequency / /— ', generat- 
ing 1 volt maximum cyclic e.m.f. The line has a total conductor 
impedance Z = R-\- jLo> ohms Z, and a total dielectric admittance 
of Y = G + jCu> mhos Z , where 

R = total conductor resistance (ohms), 
L = total conductor inductance (henrys), 
G = total dielectric conductance (mhos), 
C== total dielectric capacitance (farads), 
to = 27r/ (radians per sec). 

Required the development with time of voltage and current at the 
arbitrary point P, distant ff hyps Z from A, and 6" hyps Z from B, 
the total angle subtended by the line AB being 



e = <r + 0" = ^ZY = 6 1 +j0 2 hyps Z. (19) 

The surge impedance of the line is 



-4 



\z 

Y (ohms Z). (20) 



E.m.f. Waves or Electrostatic Flux Waves. — The initial out- 
going wave of e.m.f. at A, when if = o, is represented by a vector 
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of i.o Z o° volt max. cyclic value. After this wave of e.m.f. has 
reached P, it will have attenuated to the vector perunitage 

-B> = e -(*'+W> = -0,' X -M = e -V V g 2 r numer ic Z . ( 2 l) 

where 6 2 ' is expressed in real circular radians (or imaginary hyper- 
bolic radians), lagging in phase behind the generator e.m.f. at that 
moment. When the wave has reached B y the receiving end of the 
line, its condition will be er =r" i v 2 . At the junction BC, the 
wave breaks into a transmitted and reflected component. If the 
transmission coefficient is m, then, following in planevector nota- 
tion what Heaviside 12 first showed, with real numbers only, for the 
distortionless case : 

m = j — = ; — numeric Z , (22) 



and the e.m.f. transmitted to o- at C is me~ 9 volts Z. (23) 

The voltage for reflection at B will be (1 — m)~ e volts. This 
voltage is directed back from B towards A, and should be counted 
as — (1 — m)e~ e = (m — i)e~ 9 volts Z on the line. 

The time required for the wave to reach P from A will be 2 '/a> 
seconds, and to reach B } 2 /w seconds. This is the traverse time of 
the line and may be denoted by T. We may therefore represent the 
progress of the wave by the following table. The assumption is 
made as a first approximation, that the generator at A has negligible 
internal impedance; i.e., that the effect of its internal e.m.f., acting 
in conjunction with reflections from its actual internal impedance, 
is the same as its terminal e.m.f. steadily impressed at A would have 
with zero internal impedance (Table III.). Here $ B is the position 
angle at the end B of the line in the steady state or tanh _1 (o/£ ). 
Again S A =0 -\-S B is the position angle at the end A of the line in 
the steady state. Also 8 P = 0" -\-$ B =8 A — -6' is the position angle 
at the selected point P of the line in the steady state. It is well 
known that, in the steady state, if the impressed voltage at A is 
1.0 Z o° max. cy. volts, the final voltage at P is (sinh 8p)/(sinh h A ). 

12 Bibliography 1. 
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Consequently, if instead of taking the final voltage at P in the steady 
state, we take the stage of voltage growth at P found after k reflec- 
tions from B have passed P, the corresponding vector stage of E P , 
which may be denoted by E Pk , is 

Ep k = E PK (i - 6~ m *) = E P « (2€-*^ sinh kb A ) volts Z . (24) 

The vector coefficient within the brackets may be described as the 
vector coefficient of growth, k being an integer, increasing by unit 
steps. At k = 00 , this coefficient reaches unity. It is a real coeffi- 
cient, or has no imaginary component, when the imaginary part of 
8 A is a quadrant or any integral number of quadrants. Thus, if the 
line with its load at B develops a quarter-wave length at A; so 
that S A contains one imaginary quadrant, then e~ 2UA is a real num- 
ber, and so is the coefficient of growth at all stages. The phase of 
the final voltage at P will then be the same as that at the arrival 
of the first wave. 

Current Waves or Magnetic Flux Waves. — If the e.m.f. im- 
pressed on i4 is 1.0 Z o° max. cy. volts, without splash, the initial 
outgoing current at A is 1 L o°/z = E A y = I amperes Z, where 
y is the surge admittance i/gr . The first current wave arrival at 
P finds this attenuated to I o e~ ' and the first arrival at B to I Q er* 
vector amperes. In each successive arrival, the value I appears, 
and in tabulating the wave progress, I may be omitted as a common 
multiplier throughout, until the summation is effected. We may 
therefore prepare a schedule of reflections similar to that given for 
the waves of e.m.f. The coefficients of transmission and reflection 
of the current waves arriving at B are however different from 
those for the voltage waves. The coefficient of current-wave trans- 
mission n is 

n _. _^ _ — numeric Z (25) 



(4-*) 



and the reflection coefficient is 





%o — <r 
n — 1 = . 

Zo+ <r 
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numeric Z, (26) 
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so that in terms of m, 

n = 2 — m numeric Z (27} 

and 

n — 1 = 1 — m numeric Z (28) 

These rules are of general application, and may be thus ex- 
pressed. The sum of the voltage and current transmission coeffi- 
cients at a junction point in a line is equal to 2. The two reflection 
coefficients have the same size, but have mutually opposite signs. 

Appendix II. 

On the Case of Line AB Connected as in Fig. 1, and Oscillographed 

as in Fig. p (Film No. 40), with 100 Volts R.m.s. Sinusoidal, 

Impressed at A, with Negligible Splash and Negligible 

Lumpiness Transient. 

Taking the tabulated constants of the artificial line from Table 
II., the impedance of the oscillograph load at B was <r = 9900 Z Q* 
ohms. The angle 8 B subtended by this load 

, _i 9900 Z o° . . « • 

= * 342.5 \ 4 24/ = °-° 3451 + ^°'99 8 3 h yP- 

This is the position angle 8^ of the end B of the line in the steady 
state. The position angle of the A end is $ A = 0-\-$ B =0.1660 
+ / 2.0393 hyps. 

The e.m.f. at B in the final steady state with 141. 4 Z o° max. 
cyclic volts at A will be 

sinh (0.03451 + jo.9983 ) 
E B = 141.4 Z o° X . « f — — — . . N = 795.8 ^ 110 36' volts* 

^ ^ sinh (0.1660 + J2. 0393) iyo ° 

Similarly, the sending-end final current at A in the steady 
state is 



Is = 



E A 141.4Z0 



S r, +o«V. X n a /-» .- r a <* 



z tanh 8 A 342.5 \ a? 24' X 0.17571 Z 20 o' 45'' 

141.4 Z o° . , „ 

60.180 Z 15° 36' 45" = 2 ' 35 ° ' I5 36 45 amperCS ' 
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Comparing these values with those taken from the oscillograph 
Fig. 9, Er = jq6 v no° max. cyclic volts, and / s = 2 # 35 viS° max. 
cy. amperes. This agreement is satisfactory, and is even closer 
than the interpretation of the oscillograph record would warrant. 
The width of the curves in Fig. 9 is greater than in subsequent 
oscillographs, when the optical technique had been improved; so 
that the precision of measurement in Fig. 9 is somewhat below that 
later attained. 

It is shown in Appendix /, that with a given load of <r vector 
ohms, applied at B to a single smooth line, with a sinewave of unit 
maximum e.m.f. applied splashlessly at A, the voltage wave at a 
point P on the feth reflection from the B end, is 

— (1 — m) k e~ (2ke ~ ef) max. cy . volts Z , (29) 

where m is the transmission coefficient to a voltage wave arriving 
at B, 6 is the angle subtended by the line, and ff the angle from A 
to the selected point P. This expresses both the size and slope of 
the &th return wave at P, with respect to unity size and zero slope, 
or standard voltage phase, at A. 

The summation of all the e.m.f. waves arriving at the point P, 
including the fcth reflected wave from B, is also shown to be 

sinh dp ■ „. k . sinh 8 P «.*.„, 

slrW- 6 } =sln07 2€ -*■""*«' max. cy. volts Z. (30) 

But the final steady voltage at P is (sinh 8 P )/(sinh 8^) volts Z ; so 
that the summation to the feth return wave at P, inclusive, is equal 
to the final voltage multiplied by the vector " growth coefficient " 

w = i - e~ 2A ^ = 26~* a ^ sinh k8 A numeric Z . (31) 

If, then, we denote the final max. cyclic voltage at P by E Pao vector 
volts, the corresponding maximum cyclic voltage at an intermediate 
period, after the arrival of the kth return wave from B, and before 
the arrival of the next following incoming wave from A, is 

E Pk = E P<K -w max. cy. volts Z . (32) 
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The growth coefficient w is not a continuous function of time. It 
increases by a sudden jump at each moment when a new reflected 
wave arrives. The size of w is zero up to the time when k = i f 
and attains unity when k = oo , but it may exceed unity during the 
process of increase. That is, the max. cyclic voltage E Flc may 
happen to be greater at some stage of the regular transient state, 
than in the final steady state. The slope of w may also vary over 
a considerable range during the period of regular transient growth. 

Similarly, referring to Appendix I., Table IV. shows that the 
attenuation coefficient of the current wave at a point P on the feth 
reflection from the B end of the line is 

(n - i)V (2 **- r) = e~ {2k ^~ ef) numeric Z , (33) 

where n is the transmission coefficient of a current wave arriving 
at B. The summation of all the current waves arriving at the point 
P, including the &th reflected wave from B, is also shown to be 

'- '*££<- ^ 

cosh dp _ kS 
= I a 1 . • 2e A sinh kd A max. cy . amperes Z , (34) 

where / < is the max. cy. current at A in the steady state, ordinarily 
taken to E A as standard phase. 

But the max. cyclic current at P in the steady state is known 
to be 

cosh 8 P E A cosh 8 P 
/i>K = 7x -c"osh^ = ^-skhl^ max. cy. amperes/, (35) 

so that 

Ipk = /p*(i - e" 2 ^) = J Poc .26-*^ sinh-Ak 

= Ip K w max. cy. amperes Z . (36) 

This means that the growth coefficient w kf after the passage of the 
fcth reflection back from B f is the same for both the voltage and 
current at P. It also means that the impedance of the line PB and 



362 



KENNELLY-NABESHIMA— ESTABLISHING A 











*ci "V *^t *b\ *ro *^fr V- to *ci *io*ro*io 


"to 




13 


lOioMHlOHN Hro^fO ^t 










roroNM-ooooooPiioro> O 




« . 


MrtHHCOMro N io i"io 




ro 




oooooooooooo 




o 




Vh *i 


O MiOt^O\0 H fO fO fO ^ ^t 




to 




2J^ 


H H H H H H M 








V 


1/k j/l/l/l/l/l/l/l/l// 




1/ 




> 


^•^•MOOO^MMCOfOOM ' ' "O 






ONNCOt^t^^OVMCOlOlO *0 




"rt 


q^*t^q\OMNNforororo ro 


N 


o 

H 


HHMMNNNNNNNN M* 












p, 


0» ^ 


vO f00\0 MOO 1OH00 ^t^-ro 


E 


MiOMr^Hro ro to N m rf 




v vv vvvvvvvvv 


< 


4; _l_ 


O^OsrooOMt^HiooOst^" 


rt ^t ^ to »o m m n n ro 




sA 


oo oooooooooo 








NO\OrOOOOiON^frvOOt^ 








H N rororj- lOO O 00 00 




o 




1 — ^ 1 — — ■ — ^ — 1 — ■ — 1 — " 1 — ' ■ — ^ — L — »-^" / 1/ ^ 






M > 


roo to^friorOTfOoo O\t^to 








vO<NNO\°0vOOO\O^tt^tO 




0»h lOO MO'tN MMOO 





nojMMqqqqqoqo 


i-i 
i-i 

U 




6 6 6666666666 


. 






(fl 




T3 




V 
> 


*K v ^**to*toV. v M V- v m *ro*Vt't^%t "to 


a 


^•fOHMM ION lOlO Tt 




£ 




bO 


OOiO00HOf0N00 00N0\ vO 


a 




<*ro h m rf tororort 




fO 


'•B 


2 ? 


oooooooooooo 




o 


M M rtvO OOOSWMMrOrt^* 




to 


V 


2 * 


H H H M H H 




H 


C/i 


l/l/l/l/l/fl^l/l/i^ 1/1/ 




1/ 




3 N 


O\t0v00 r^tOvO TfO CO to N 


1 o 




3 


t^CON tOM ^t^-fOO fOO h O 




OHt^MOMOvOOMrttO to 




D 
g 


N«iOOOOHN«rOfOfOf1 fO 




ohhhnnn'nnnnn ci 






vq c* oq ^tqvq n oo tj* o vq ci 




s 


^oo't^to^roMOodt^vo'^fol 1 u 

H<Mf0TftOvOvOt^00O\O | 1 o 




S 

H 










VV.VVtVVtvV*. 












OOOOOMt^Mt^oOOs^MOs O 


>* 




N ^"^^t"^t" M M CO H M M H 






N 0\^t^O to fO vO V- V- 00 *C1 *b\ O 


X 




.P N ~ -« w « w ^ ~ ^ ^ °0 "t 


ro 


rt 




OOOOOOOOOOOoO 


o 


s 




COO 0\w rorfvO t^t^oo 0\ 0\ 0\ 
0\0\0\0000000000 


o 

H 


V 


mhmmmmmmmm 




bo . 


« 


k'l/l/l/l/l/l/l/l/i/l/i^ i/ 


1/ 




t^OlOrOHlOvOtO^OOt^tOM 00 




0\H NXOO dt^oxc h 4o to 




fOWfOMt^HrtvOt^00O\O\O\ 0\ 


1> 

bo 




M ^t lOO vOt^t^t^t^.t^.t^t^.t^. t- 






!H 


(75 


fOO\iOH t^fOO\tOH (s ro O\»o 


**> 

y 


£ 


^^NHdoo^io^fOH doot^l 8 


<u 


D 


h n roroTfioo m» aao ' 


g 


s 


H 




H 








VVVVVV*.VV*.VVV V 






vvvvvvvvvvv^v V 


5 




MMOOoorooorOMMNOoOM o 




v ro v w v ro v «M v m ^ rf <N rj- rj- ro ^f to 


| 


N 


foo hoo io*b*(M v o\oooo*5>*fosb *b 


^ ton n ioro« roiflN rj- 




t 


.a 


OOOOOOOOOOOOO 


O 


£ 


t^TfM0^1>.lOTfrOMMMMO 


o 


V 






x 


B 


\I\I\I\I\I\I\I\I\I\I\I\I\I 


N 


S 


2 


N ^}"M 0\M O TfM O\t^00lOlO 


o 





HO 0\0 N t O\fOM00 Tj-OO O 6 


& 




OM\Ot^toOr0\Ot^00O\O\O O 




roto\qt>.ooq\q\q\q\q\q\o\q o 






ooooddddoddoM m 


ti 


\t 


h N fo^tioo NMO> O h « ro | 






M M M M 


1 


o 



STEADILY ALTERNATING CURRENT ON A LONG LINE. 363 

the load o-, as developed at P, will be the same, after the passage of 
the feth reflected wave of voltage and current, as in the final steady 
state or 

Z Pk = j^ = Zq tanh 5 P = Z Poc = constant ohms Z . (37) 

It is here assumed that the feth reflection of voltage from B has 
passed P, and also the feth reflection of current, as the two are, in 
general, dephased by a definite amount. 

It may be noted that when, as in Fig. 9, the current is observed 
at the A end of the line, the oscillogram includes, with the feth re- 
flection from B, the (k + i)th outgoing wave from A. The point 
P of observation would have to be shifted to a suitable distance from 
A, in order to separate these two impulses. Consequently, when 
summing up the growth of current at A, the (k-\-i)th. outgoing 
wave must be added to I P •,. 't his increment is 

* k 

t Ak = I ( n - i) k e~ ke = I e~ mA max. cy. amperes Z . (38) 

The accompanying Table V. shows the successive values of the 
growth coefficient w for the artificial line under test from k = i to 
k= 13 inclusive, both for voltage at B and current at A. 

The vector diagram of Fig. 15, shows the planevector increase 
of voltage at B and current at A for the case represented by the 
oscillogram, Fig. 9. The voltage 00 = 239.7 V93°-33' and is the 
first wave at B, including immediate reflection there. The angle 
XOa = 93°.33', or OX, represents the standard phase of impressed 
e.m.f. at A. If the line had been of exactly a quarter wave-length, 
this angle XOa would have been reduced to just one quadrant. 
This wave Oa commences to arrive at B, 4.3 milliseconds (93° -55 
electrical degrees on a 60.6 ^ circuit) after closing the switch at A. 
The second wave reflection at B will commence to develop after 
the outgoing wave has run three times over the line {AB, BA, AB), 
or a total lapse of 12.9 milliseconds after switch closing. Its vector 
value in the Table is 172.0 V ioo°.37' and it is represented by ab 
in Fig. 15. 
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Relations between the transmission-reflection coefficients in the 
transient state and the position angle at B in the subsequent steady 
state: Referring to Fig. 3, and to the load of o- vector ohms at B 
connected to a uniform line of surge impedance z^ we know that 
in the steady a.-c. state, the position angle l B at B is defined by 



tanh 8 B = — numeric Z . (39) 



But 



e *B _ e ~ 8 B J — e ~ 28 B 

tanh 8 B = ^ B + - lB = x + e - 2 s B numeric Z . (40) 

Hence 

1 — e "b = — - — = m=2 — n = i .9333 + 70.00496 
Zq-\- a 

= 1-9333 ^ o°8 / 49 // numeric Z, (41) 

_ e ~28 B = = w _ j = j _ w = 0.9333 +JO.OO496 

= 0-9333 1 ^ o° 18' 16" numeric Z , (42) 

-2/S 2Z 

I + e ° 5 = : — = 2 — m = n = 0.0667 — 70.00496 

£'0 + °" 

= 0.06689 \ 4 15' 10" numeric Z , (43) 

-2/5 z o — °" 
e ^ = — j— = 1 — m = n — 1 = — 0.9333 ~~ 70.00496 

= 0.93331 ^ I79 4i , 44" numeric Z, (44) 

5* = logh Vt4^ = lo S h \^~Z1 = °-°345i +71.56814 

= 0.03451 + 70-9983 numeric Z , (45) 

Here m is the voltage transmission 

coefficient at junction BC 
— (1 — m)=m — 1 is the voltage reflection 

coefficient at junction BC 
n is the current transmission 

coefficient at junction BC 
— (1 — n)=n — 1 is the current reflection 

coefficient at junction BC 
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The Energy Content of an Outgoing Wave. — Fig. 18 presents 
a diagrammatic view of a single pair of outgoing waves from the 
generator A on to the uniform line AB, E being the voltage wave 

E 




Fig. 18. Diagram of Single Wave Current and E.M.F., launched on a Uni- 
form Distortionless Line. 



and / the current wave. If the line is taken as distortionless, in the 
simplest case, the two waves will be emitted in cophase. The 
maximum cyclic value of the sinusoidal impressed e.m.f. being E A 
volts, and the linear capacitance c farads per km., the electric energy 
given to the wave in an element of length dx km. will be e 2 (c/2)dx 
joules, where e is the instantaneous value of the e.m.f. The total 



electric energy in the wave will be 



E\ 



- • X joules, where A. is 



the length of the wave in km. ; because E A 2 /2 is the average square 
of e integrated over the wave-length. This electric energy is dis- 
tributed in the dielectric in the form We = Be 2 /8wK ergs per c.c, 
where Bs is the electric flux density in " statgausses," and k the in- 
ductivity of air. The frequency of the impressed e.m.f. being f^, 
the rate of delivering electric flux energy to the line is 



Pe = 



2 



2 J 4 



watts. (46) 



The wave attenuates as it advances along the line, but the last 
equation expresses the initial power of supplying electric flux into 
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the dielectric at the end A of the line. The quantity v is the ap- 
parent velocity of transmission. 

Similarly, if / is the linear inductance in henrys per km., the 
sinusoidal outgoing current at A has an instantaneous value i and a 
maximum cyclic value I amperes, the magnetic energy in an element 
dx of the line is i 2 (l/2)dx joules. The total magnetic energy in a 
complete outgoing wave as it passes A is (7 2 /2) • (7/2) -A joules. 
But 

/o = if = % = Ea ' *i ; so that 7 ° 2 = EJm v 



or 



li . i. = ^ . £ 

2 2 2 2 



joules. (47) 



The magnetic energy in the wave is therefore (E 2 /2)-(c/2)-\ 
joules, which is the same amount as the electric energy. The mag- 
netic energy is distributed in the dielectric as volume energy of 
magnetic flux of the type Wm = Bm 2 /(&rrt*>) ergs per c.c, where B m 
is the magnetic flux density in gausses, and /jl the permeability of the 
air. 5 e = 5 m numerically, and w e = w m ergs/c.c. The energy of 
any initial outgoing wave is thus half electric flux energy, and half 
magnetic energy. The rate of delivering this magnetic energy at 
A is 

EJ c E A 2 -c , N 

P m = — • - • /X = -^— • v watts. (48) 

2 2 J 4 

Thus Pm = P e . The total power 

P = • v = — v watts. (40) 

2 2 

The mechanism of electric power transmission, as contemplated 
in the initial transient state, is the energization of the dielectric with 
electric and magnetic fluxes, which at each point have equal numer- 
ical values and volume energies, and, in shipping off these slabs of 
flux at the transmission speed v. Continual reflections of these 
waves, from both ends of the line, subsequently build up a standing- 
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wave steady state, in which the volume energy of electric flux is 
different from, and ordinarily much greater than that of the mag- 
netic flux, at any one point in the dielectric. The transmission 
process retains, however, the same general character, the effect 
being one of summation of travelling waves and wave energies. 
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List of Symbols Employed. 

a Linear hyperbolic angle or propagation constant of a uni- 
form line (hyps/wire km.). 
B = Cw Total susceptance of a line (mhos). 
b = c& Linear susceptance of a line. (mhos/w.km.). 
Be Electric flux density in a dielectric (statgausses, or *xstat- 

volts/cm.). 
Bm Magnetic flux density in a dielectric (gausses, or /* gil- 
berts/cm.). 
^° Phase angle of lag (circular degrees). 

C Total capacitance of a line (farads). 

c Linear capacitance of a line (farads/w. km.). 

$a, $b, 5 p Position angles at sending end, receiving end, and interme- 
diate point on a line, in the steady state (hypsZ). 
dx Small element of line length (km.). 
EA,BB,EAm Max. cyclic voltage at sending end and at receiving end of a 
line, in the steady state ; also scalar max. value (volts Z). 
EptcjEpoo Transitory voltage at point P after the &th reflection from 
B and in the steady state (volts). 
e, er, e s Instantaneous voltage generally, at receiving end, at sending 
end (volts). 
€ = 2.718... Napierian base (numeric). 
/ Impressed frequency (cycles per sec). 
G Total leakance of a line (mhos). 
g Linear leakance of a line (mhos/w.km.). 
= 1 -\- ft 2 Hyperbolic angle of a line and its components (hypsZ). 
B' =z 0^ -f y# 2 ' Angular distance of a point on a line from A, the sending 
end (hypsZ). 
0" =2 6^' + y# 2 " Angular distance of a point on a line from B the receiving 
end (hypsZ). 
I a, h Current at sending end of the line (max. cy. amperes Z). 
1b, Ir Current at receiving end of the line (max. cy. amperes Z). 
I Initial outgoing current at A (max. cy. amperes Z). 
Iptc,Ip<* Transitory current at point P after the &th reflection from 
B, and in the steady state (amperes Z). 
i, ir, is Instantaneous current generally, at receiving end, at sending 

end (amperes Z). 

j = V— i 

k Number of arrival wave, or of a B reflected wave, at a point 
P (numeric). 

* Electric inductivity of a dielectric 

( statgausses/statsvolts-per-cm.) . 

I Total inductance of a line (henrys). 

L Length of a line (km.). 

/ Linear inductance of a line (henrys/w. km.). 

X Wave length on a line (km.). 
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m Vector voltage transmission coefficient' at junction 

(numeric Z). 

M Magnetic permeability (gausses/gilberts-per-ctn.). 

n Vector current transmission coefficient (numeric Z). 

also the number of single wave passages over a line per 

second (numeric/sec.) 

P = Pe + Pm Total average power at sending end of a line in transient 

state (watts). 

Pe, Pm Average power of transmitting electric flux and magnetic 

flux along line, at A (watts). 

t = 3.1415... (numeric). 

R Total resistance of a line (ohms). 

r Linear resistance of a line (ohms/w. km.). 

<r Impedance of load at B (ohms Z). 

T Time of transit of waves along line from A to B, or B to A 

(seconds). 
T r Time of transit of waves along line from A to P (seconds). 
Tpi, Tpi, Tph Time of transit of first, of second and of &th wave reflec- 
tion from B to P (seconds). 
t Time elapsed from switchclosure at A (seconds). 
v Velocity of propagation of waves along line (km./sec.). 
w, wk Growth coefficient of waves at point P in transient state, 
coefficient after &th reflection (numeric Z). 
we, Wm Volume energy in dielectric of electric flux and of magnetic 
flux (ergs/c.c). 
X=z£v Total reactance of line (ohms). 
x Linear reactance of line (ohms/w. km.). 
Y Total admittance of line (mhosZ). 
Z Total impedance of line (ohmsZ). 
z Q Surge impedance of line (ohmsZ). 
Z p ;, Zp a Impedance at and beyond a point in a line after &th reflec- 
tion from B, and in steady state (ohmsZ). 
w Impressed angular velocity (radians/sec), 
logh Hyperbolic logarithm, or logarithm to Napierian base, 
hyp Hyperbolic radian, 
w. km. Wire kilometer, 
r.m.s. Root mean square. 
|2j| Size of complex E. 



